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NOTE. 

It must be clearly understood that figures 
given relating to Covering Power and Time ot 
Application are approximate only, as these 
must of necessit) var> largely according to 
circumstances. 



CEMENT 
FINISH 
PAINT 

PAINT 
(FLAT OIL 

finish) 



Paint will cover a greater area on a hard. 
smooth surface than on a rough, absorbent one 
and can also be applied much more quickly on 
a plain surface than on one which contains 
irregularities of surface, such as mouldings, etc. 
No account also is taken of scaffolding, which 
is often an important item. 

M WDI-K m«>l HERS, 1 I I) 



ANTI ., 
SUCTION 
SOLUTION 



GENERAL CLAUSES. 



Ilk- following Clauses should be included: 
I. All While lead should be genuine British 
Ground White lead and genuine Read) Mixed 
While I ead Paint I he Raw Linseed Oil to be 
pure and I urpentine to be genuine American. 
Where this is not obtainable best qualit} 
Turpentine Substitute should be used. 

Ml dooi luiiuiir to he removed and 

■ ed alter painting. 

] I he exterioi \\<>rk ^ not to he proceeded with 
m wet. fogg) oi frost) weather, or on mh' 
whkli are not thorough)) dr) 

4. All I paint, etc., are to be thoroughly 

hard before furthc - applied 

c All perished and blistered paint to be burnt oil 
ding \Mth painting 

6 Ml work is to be carefull) prepared and lightl) 
pap-. Mail-holes 

pped after priming 
is dr) 

Vqualin Paint on 

long 

C to dr) and should not he done until 
nine as directed h\ the Architect. 



DISTEMPER 

(Interior). 



New Ceilings 
and Walls. 

Plaster, Plasterboard. 
Brick, Concrete, 
Cement, Asbestos 
Sheeting, etc. 



All ceilings and walls, where 
directed, to be cleaned down to 
remove all surplus plaster and 
other extraneous matter, and 
make good where required, to 
a level surface. 



PAINT 

(flat oil 
finish) 



Tests to he made and if there is an) indication that 
the surface contains soluble salts or is alkaline, a 
coat of Mander's Concrete Primer to he used as a 
preliminary coat. (See Note 2). Appl) two coats 
Mander's "Aqualine" Water Paint, the first coat 
thinned with Mander's Priming Solution only. 
On normal surfaces omit the coat of Mander's 
Concrete Primer. 



I ibreboard and 
materials free from 
moisture. 

traneous matter. 



All ceilings and walls, where 
directed, to be cleaned down to 
remove dirt and other ex- 



ANTI .. 
SUCTION 
SOLUTION 



Apply one coat of Mander's Anti-Suction Solution 
and two coats Mander's "Aqualine" Water Paint, 
the first coat thinned with Mander's Priming 
Solution only. 



Old Ceilings Cut out all cracks to plaster, 

and Walls. make good to ceilings and walls 

Plaster, Plasterboard, with Plaster of Paris mixed with 
Hrkk. Concrete, K . , , UA ,- ,, u , , 

Cement, Vsbestos Mander s Aqualme Water 

Sheeting, I ibreboard, Paint. Repair moulded cornices, 
arrises, etc., as required, with 
Keene's Cement. 

All other surfaces to be prepared and filled as 
required. 

Wash, stop and apply two coats of Mander's 
"Aqualme" Water Paint on ceilings and walls, the 
first coat thinned with Mander's Priming Solution 
only. 

Where the surfaces are exceptionally porous, apply 
one coat of Mandefs Anti-Suction Solution as a 
preliminary coat. (See Note 3). 



Over Thoroughly brush down walls 

Old Wall Paper. and secure paper where loose. 
Apply two coats of Mander's 
"Aqualine" Water Paint the first coat thinned with 
Mander's Priming Solution only. 

(Note: — "Aqualine" should not be applied over old 
varnished wallpaper). 



(her Provide and hang Lining Paper, 

Lining Paper. the joints to be hutted nol 

lapped. Apply two coats oi 
Mander's "Aqualine" Water Paint, the first coat to 
be thinned with Mander's Priming Solution only. 

Varnishing over The "Aqualine," where speci- 



fied to be varnished, must be 
carefully laid off or stippled. 
Appl) a coat of "Aqualine" 
and thereafter varnish with 



"Aqualine " 
Water Paint, 

Priming Solution 
Mander's Copal Varnish. 

Note: — Care must be taken to see that the 
"Aqualine" is thorough!} dr> before varnishing. 



CEMENT 

FINISH 
PAINT 

PAINT 
(FLAT OIL 

finish) 



PAINT 

(glossy 
finish) 



ANTI ^ 
SUCTION 
SOLUTION 



VARNISHES 



dim emper 

< I vterior). 



New and i 

ated Brick, 

( HP, 



I horoughlv, brush down the 
surfaces to he distempered and 
clean oil all din and othci 
i ( .his mattei M il 

required, to a level 
and allow maximum 

llMi .(il 

Primei and two 
Watci Paint, both coats 

Priming 

///// 

brush down the 
■ in 1. 1 ush 
Scrapn and 

and make 
.ma allow 
Vpply 

Solution only 
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interior and under suitable conditions for exterior 
decoration. "Aqualine" is washable a few weeks 
after application. No stippling is necessary. 
"Aqualine" flows out well, it nun be varnished 
and is effective and durable as a dado. 

2. Concrete Primer binds all loose materials, 
thoroughly seals the pores and affords a smooth 
non-porous surface on which "Aqualine" may 
be applied. All surfaces over which Concrete 
Primer is used should be reasonably free from 
moisture. (See page 31 for further details). 

3. Anti-Suction Solution can be applied on 
surfaces, but where it is impossible to remove 
completely any old distemper, lime wash, etc., 
and where the surfaces are highly absorbent, a 
coat of Mander's Concrete Primer should be 
applied instead of the Anti-Suction Solution 

4. Covering Power: — I -lb. of "Aqualn^" will covei 
4 — 5 square yards. 

5. Approximate time for applying One Coat: — 
About three minutes per square yard, this does 
not include time for scaffolding or othei 
contingencies. 

6. "Aqualine" can be applied either by brush or 
spray. 



CEMENT 
FINISH 
PAINT 

PAINT 
(FLAT OIL 

finish) 



PAINT 

(glossy 

finish) 



ANTI . 
SUCTION 
SOLUTION 



VARNISHES 



I n treated. 

Brick, Concrete, 
( ement, Stucco, 
Roughcast, Stone 



Cement Finished. 
Brick, Concrete, 
( 'ement, Stucco, 
Roughcast, Stone, etc. 



CEMENT FINISH PAINT. 

New and previously Thoroughly brush down surfaces 
and clean off all dirt and other 
extraneous matter. Apply two 
coats Mander's "Pascol" mixed 
according to printed directions. 

Allow at least 24 hours between coats. 

Old and previously Thoroughly brush down the 
surfaces with a wire brush. 
Scrape and remove all loose, 
flaking and perished matter. 
Clean down and make good 

where required and allow maximum time to dry out. 

Apply two coats Mander's "Pascol" mixed according 

to printed directions. Allow at least 24 hours 

between coats. 

NOTES ON "PASCOL." 

"Pascol" is a form of dry powder which merely 

requires mixing with water to render it ready 

for use. 

Pascol" must not be used over any surface 

previously treated with any kind of paint, 

distemper or other preparation. 

"Pascol" resists the action of lime, etc., and 

adheres firmly to new cement, fletton bricks, etc. 

Covering Power:— 1 -lb. of "Pascol" will cover 

about 4 square yards. 

"Pascol" can be applied by either brush or spray. 



I. 
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'VERNASCA" FLAT OIL PAIN1 



(Interior*. 

All nev\ ceilings and walls, 
where directed, to be prepared 
and painted one coal Mander's 
Concrete Primer and two coats 
Mander's "Vernasca" Flat Oil 
Paint, thinning the first coat 
with not more than one pint of Genuine Raw 
Linseed Oil per gallon of "Vernasca " 



Vu Ceilings 

and Walls. 
Plaster, Plasterboard. 
Brick, Concrete, 
( ciiHiii, Asbestos 
Sheeting, etc. 



All ceilings and walls, where 
to be prepared and 



Pibreboard and 

materials entirelj free directed, 

from moisture. 

painted one coat Manders \nti- 

Suction Solution and two coats Mander's "Vernasca" 

Flat Oil Paint, thinning the first coat with not more 

than one pint o\ Genuine Raw I inseed Oil pei 

gallon of "Vernasca." 

All ceilings and walls, where 
directed, to be carefull) stripped. 
thoroughl) washed and rubbed 
down. Cut out all cracks .md 
make iiood to ceilings and walls 
Repair moulded cornices, arrises, 
etc., as required with Keene's Cement 

All bare and porous surfaces to be given a c 

Mander's Concrete Primer. 



Old Ceilings 

and Walls. 

Plaster, Plasterboard, 
Brick, Concrete, 
< ement, Asbestos 
Sheeting, etc. 



PAINT 

finish) 









ANTI . 
SUCTION 
SOLUTION 



VARNISHES 



(Over old dark painted surfaces which are to be 
finished with a white or light shade, apply a coat 
of Lndercoating of a suitable shade). 

Apply two coats of Mander's "Vernasca" Flat Oil 
Paint, thinning the first coat with not more than one 
pint of Genuine Raw Linseed Oil per gallon of 
"Vernasca." 

Over Thoroughly brush down walls 

Old Wall Paper. and secure paper where loose. 
Apply one coat Concrete Primer 
and two coats of Mandefs "Vernasca" Flat Oil 
Paint, thinning the first coat as specified above. 



(her 

lining Paper. 



Provide and hang Lining Paper, 
the joints to be butted not 
lapped. Apply one coat Con- 
crete Primer and two coats of Mander's "Vernasca" 
Flat Oil Paint, thinning the first coat with not more 
than one pint of Genuine Raw Linseed Oil per 
gallon of "Vernasca." 



Varnishing 
over "Vernasca 



Prepare and varnish the "Ver- 
nasca" where specified with 
Mandefs Copal Varnish. Care 
must be taken to see that the "Vernasca 
thorough!} hard and dry before varnishing. 



NOTES ON "VERNASCA" FLAT OIL PAINT. 

1. "Vernasca" combines all the durability and ease 
of working of a first-class I namel, with the satin- 
like finish nt .1 flat ml paint. It flows out like an 
Enamel and stippling is unnecessary. 

Bering Power: One gallon of "Vernasca" 
will cover 70 SO square yards 

3. Approximate time for applying One Coat: Foui 

minutes per square yard. 






ANTI . 
SUCTION 
SOLUTION 



VARNISHES 



BUILDINGS 



DURABLE GLOSS PAINT 

(Interior and Exterior). 
NEW AND PREVIOUSLY UNTREATED. 



Brick. Concrete, 
Cement, Stucco 
Stone. Asbestos 
Sheeting, etc. 



Clean and prepare surfaces 
and apply one coat Mander's 
Concrete Primer, two 
Mander's Durable Gloss Paint 
Undercoating and finish with 
one coat Mander's Durable Gloss Paint. 

Each coat of Undercoating to be of different shade. 
For exterior work. Durable Gloss Exterior Quahu 
Undercoatings and Finishings must be used, (See 

Note 2). 

Woodwork and Knot, prime (see note 3), stop 
Joinery. and paint all new woodwork 

usually painted, with two coals 
Mander's Durable Gloss Paint Undercoating and 
one coal Mander's Durable Gloss Paint. 

1 ach coat of Undercoating to be of different shade. 
exterior work. Durable Gloss Exterior Quality 
Undercoatings and Finishings must be used. 

Ironwork. (lean down all new and 

unpainted ironwork free from 
dirt and grease, etc., scrape and wirebrush to 
remove entirely all rust and scale. 
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Apply one coat of Rust Inhibiting Primer PP.83 1 
or Genuine Red Lead Priming Paint PPX40 (see 
Note 4) followed by two coats Mander's Durable 
Gloss Paint Undercoating and finish with one coat 
Mander's Durable Gloss Paint. 

Eaeh coat of Undercoating to be of different shade. 

For exterior work. Durable Gloss Exterior Quality 
Undercoatings and Finishings must be used 

The inside of all gutters to be painted with Black 
Bituminous Paint. Backs of pipes, etc.. to be 
painted. 



PAINT 

(glossy 

finish) 



Galvanized 
ironwork (New). 



All Galvanized iron specified to 
be painted, is to be treated with 
the following Mordant 



Thoroughly mix 64 parts soft water. 

1 part Chloride of Copper. 
1 „ Nitrate of Copper. 
I „ Sal Ammoniac. 
1 „ Hydrochloric Acid. 

Brush on to all galvanized work and allow to stand 
15 minutes, wash off with clean cold water and allow 
to become thoroughly dry before proceeding. 



ANTI .. 
SUCTION 
SOLUTION 



OI I> WORK PREVIOUSLY DECORATED. 

Brick, Concrete, Ihoioughly brush down all 

Cement, Stucco, surfaces to he painted, with a 

Stone, Asbestos u 1IV brush ; remove all loose and 

Sheeting, etc. flaking matter. 

Cut out, renew and repair as required. Apply one 
coat Manuel's Durable Gloss Paint Undercoating 
and finish with one coat Mander's Durable Gloss 

Paint. 

(Where white or other light shades are to be used. 
two coats ol Undercoating will be required). 

For exterior work, Durable Gloss Exterior Quality 
Undercoatings and Finishings must be used. 

Woodwork and Thoroughly wash down all old 

Joinerv. paintwork, rub to a smooth 

surface, stop all cracks, joints, 
etc., and touch up and bring forward. Where the 
old paintwork is cracked, blistered or perished, burn 
off and rub to a smooth surface. Knot, prime, stop 
and paint all bare woodwork with two coats of 
Mander's Durable Gloss Paint Undercoating. 

Apply one coat of a similar Undercoating to all other 
surfaces and finish the whole with one coat Mander's 
Durable Gloss Paint. 

Where two coats of Undercoating are used, each coat 
to he of a different shade. 
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For exterior work, Durable Gloss Exterior Quality 
Undercoatings and Finishings must be used. 

Ironwork. All gutters, rainwater pipes. 

metal casements, etc., and old 
ironwork previously painted, to be thoroughly scraped 
free from rust, cleaned down and bare places given 
a coat of Rust Inhibiting Primer PP.831 or Genuine 
Red Lead Priming Paint PP.840. Touch up, bring 
forward and apply one coat Mander's Durable Gloss 
Paint Undercoating and finish with one coat 
Durable Gloss Paint. 

(Where white or other light shades are to be used, 
two coats of Undercoating will be required). 

For exterior work, Durable Gloss Exterior Qualit) 
Undercoatings and Finishings must be used. 

The inside of all gutters to be painted with Black 
Bituminous Paint. Backs of pipes, etc., to be painted. 



ANTI . 
SUCTION 
SOLUTION 



NOTES ON DURABLE GLOSS PAINT. 

1. Mander's Durable Gloss Paints are made in a 
special elastic medium which has been found, 
alter years of experience, to produce an 
exceptionall) permanent paint film even when 
exposed to severe climatic eonditions. They arc 
sent out read) for use. 

2. Colours marked thus on the pattern cards arc 
available in a lead base quality specially suitable 
for outside work. Specifications should therefore 
be made out accordingly if this quality is required 
for both Durable Gloss Paint and Underrating. 

3. Primers lor Woodwork: — 

Mander's Pink Primer PP.803. 

Grev Primer PP.804. 

Aluminium Primer PP.765. 
Aluminium Primer is speciall) recommended for 
resinous wood such as Columbian Pine, etc. 

4. Primers for Ironwork: — 

Mander's Genuine Red Lead Primer PP.840. 
Grej Metal Primer PP.723. 
Rust Inhibiting Primer PP.831. 

Covering Powei One gallon of Durable ( 
Paint will cover about 80 square yards. 

Approximate time tor applying one oat: Seven 

minutes per square yard. 
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MANDER'S LACQUER. 

(Interior and Exterior). 

NEW AND PREVIOUSLY UNTREATED. 

Clean and prepare surfaces 
and apply one coat Mander's 
Concrete Primer, one coat 
Mander's Underrating Paint 
two coats Mander's Lacquer 
Exterior Quality Undercoating 



Brick, Concrete, 
Cement, Stucco, 
Stone, Asbestos 
Sheeting, etc. 

and finish with 

For exterior work 

must be used. 

Woodwork and Knot, prime (see Note 2), stop 

Joinery. and paint all new woodwork 

usually painted with one coat 
Mander's Undercoating Paint and finish with two 
coats Mander's Lacquer. 

For exterior work. Exterior Quality Undercoating 
must be used. 
Ironwork. Clean down all new and 

unpainted ironwork free from 
dirt and grease, etc., scrape and wirebrush tn 
remove entirely all rust and scale. 
Apply one coat Mander's Rust Inhibiting Primer 
PP.831 or Mander's Genuine Red Lead Priming 
Paint PP.840 (see Note 3), one coat Mander's 
Undercoating Paint and finish with two coats 
Mander's Lacquer. (See Note 4). 
For exterior work, Exterior Quality Undercoating 
must be used. 



ANTI . 
SUCTION 
SOLUTION 



OLD WORK PREVIOUSLY DECORATED. 

Brick Concrete. Thoroughly brush down all 

Cement, Stucco, surfaces to he painted, with a 

St<mc. Asbestos wire brush ; remove all loose and 

Sheeting, etc. flaking matter. 

Cut out, renew and repair as required. Apply one 
coat Mander's Undercoating Paint and one coat 
Mander's Lacquer. 

(Where white or other light shades are to be used, 
two coats oi Mander's Lacquer will be required). 

For exterior work. Exterior Quality Undercoating 
must be used. 

Woodwork thoroughly wash down all old 

and Joinery. paintwork, rub to a smooth 

surface, stop all cracks, joints, 
etc., and touch up and bring forward, Where the 
old paintwork is cracked, blistered or perished, burn 
off and rub to a smooth surface. 

Knot, prime, stop and paint all bare woodwork with 
one coat Mander's Undercoating Paint and finish 
with two coats Mander's Lacquer. 

All other work, where the old paint has not been 
burnt off, to be given one coat Mander's Under- 
coating Paint and one coat Mander's Lacquer. 
(Where white or other light shades are to be used, 
two coats of Mander's Lacquer will be required). 
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For exterior work, Exterior Quality Undercoating 

must be used. 

Ironwork. All gutters, rainwater pipes. 

metal easements, etc., and old 
ironwork previously painted, to be thoroughly 
scraped free from rust, cleaned down and bare 
places given a coat of Mander's Rust Inhibiting 
Primer PP.831 or Genuine Red Lead Priming Paint 
PP.840, one coat Mander's Undercoating Paint and 
finish with one coat Mander's Lacquer. 

For exterior work, Exterior Quality Undercoating 
must be used. 



ANTI ., 
SUCTION 
SOLUTION 



SPRAY 
APPLICATION 
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NOTES ON MANDER'S LACQUER. 

1. Mander's Lacquer is the ideal paint which dries 
rapidly and hardens quickly and at the same time 
possesses the maximum of durability with no 
tendency to crack or chalk. It is manufactured 
by the use of a special synthetic resin and has 
far greater durability than any paint produced 
before. 

2. Primers for Woodwork: — Same as for Durable 
Gloss Paint. (See page 18). 

3. Primers for Ironwork :— Same as for Durable 
Gloss Paint. (See page 18). 

4. Clear Synthetic Lacquer No. V.136 can be used 
in addition to the foregoing specifications if a 
very high gloss is required and for greater 
durability. 

It is essential to apply one coat of Clear 
Synthetic Lacquer over blues when used on 
exterior work. 

5. Covering Power:— One gallon of Mander's 
Lacquer will cover about 100 square yards. 

6. Approximate time for applying one coat: — 
Seven minutes per square yard. 
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MATSINE. 

New Woodwork. Care must he taken to see that 
(Bare). a U woodwork to be stained is 

kept dry, clean and free from 
splashes, etc. 

Clean down, rub to a smooth surface with glass- 
paper and prepare surface for staining. 

All doors, windows, skirtings, 
architraves, etc., where directed, 
to be given one coat of Mander's "Matsine" to 
approved tint and finished with one coat Mander's 
"Matsine Finish." (See Note 2). 
Where the joinery is highly absorbent apply one coat 
Mander's Clear Primer No. 70183. (See Note 3). 



Specification No. I 
two Coat Work. 



Specification No. 2. 
Flat Finish. 



All doors, windows, skirtings, 
architraves, etc., where directed, 
to be given one coat of Mander's "Matsinc," 
followed by one coat of Mander's Pale Copal Oak 
Varnish and finished with one coat of Mander's 
Copal Flatting Varnish. 

Knot, prime, stop and paint all 
new woodwork where directed, 
with two coats Mander's "Matsine" Undercoating of 
a suitable shade, grain as required with Mander's 
"Matsine" and finish with one coat Mander's 
"Matsine Finish." (See Note 2). 



Specification No. 3. 
Grained Work. 



ANTI .. 
SUCTION 
SOLUTION 



23 




Old \Sork rhoroughl) fial down with 

previousl) pumice powder and water. 

Decorated. rouch up, etc., as required, all 

Old GnUoed Work. the old grained work. Appl) 

on< '■ A I UK'" 

; shade and finish with 

i Mander's "Matsine Finish." 

Old Paiatod Worl »ughl) wash and mh 
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Mai in i ndero »ating ol a suitable 
Mandcr's "Matsine" 
M inder's "Matsine 
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"Matsine Finish" is made in three qualities 

(1) Mander's Full Gloss "Matsine Finish." 

(2) Mander's Semi-Flat "Matsine Finish." 

(3) Mander's Matt "Matsine Finish." 

The Full Gloss "Matsmc Finish" is suitable for 
either inside or outside work, but the Semi-Flat 
and Matt "Matsine Finishes" are only recom- 
mended for interior wort 

The Semi-Flat quality has the advantage oi 
enabling the work to be either French Polished 
or Wax-Polished with Mander's "Florax," within 
a few hours of application and in itsell i ji\cs a 
result somewhat similar to Wax-Polish 
Mander's Clear Primer No. 701 S3 should be used 
where the joinery is highl) absorbent or the 
suction unequal, such as in the case of a door 
where the stiles and rails are deal and the panels 
of Oregon Pine. 

Mander's Clear Primer No. 70I.S3 can be applied 
to joinery which has eventually to be stained 
and for a time is exposed to the weather during 
building operations 

Covering Power: — One gallon of "Matsine" 
(5-lbs. when thinned with an equal weight ol 
turpentine makes one gallon) will cover 160 — 180 
square yards. 

Approximate time for applying one coat:— As 
a Stain, three minutes per square yard. As a 
Scumble, ten minutes per square yard. 
25 
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ANTI *. 
SUCTION 

SOLUTION 



VARNISHES 



NOTES ON MANDERS "MATSINE GLAZE." 

1. 4l Matsine Glaze" is a transparent glaze which 
can be tinted with "Matsine" (see page 23) or 
Liquid Stainers to the tints required. Many 
artistic and amusing finishes can be obtained by 
the use of a hair or rubber stippler, sponge, rag 
or brush. It can be gradated, vignetted or 
otherwise treated. Specimens will be sent of any 
particular treatment required, on application. 

2. On old distemper surfaces or where the suction 
is unequal, it will be necessary to provide for a 
coat of Mander's Anti-Suction Solution as a pre- 
liminary coat. 

3. Covering Power: — 7 to 8 square yards per lb. 

4. Approximate time for applying one coat:— ( Ibis 
must depend on the method of treatment). 



ANTI .. 
SUCTION 
SOLUTION 



VARNISHES 
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Doors, Windows, Thoroughly wash down .ill old 
Joinery, etc. paintwork and enamel work 

where specified to be enamelled. 
Stop up holes, etc., rub down and touch up and 
make good to the old surfaces. Apply two coats 
Mander's Enamel I ndercoating and finish with one 
coat Mander's Enamel. 

NOTES ON MANDERS ENAMELS. 

1. Mander's "Flexolin" Enamel is suitable for the 
exterior and interior decoration of Hospitals, 
Private Houses, Yachts, Steamships, etc. Other 
Enamels recommended are as follows: — 

Mander's Brilliant White Enamel 
Mander's Egg-Shell Gloss Enamel. 
Mander's Flat White Enamel. 
Mander's Enamel Undercoating. 

2. The preparation for an enamel finish is most 
important and should there be any danger of the 
old surfaces not being properly cleaned, or the 
suction being uneven, a coat of Concrete Primer 
should be applied as a preliminary coat. Enamel 
is not a cheap form of decorating and unless the 
work is properly prepared and the correct number 
of undercoatings used, it is better to specify 
Durable Gloss Paint (page 14) which in itself 
is a good-class enamel. 

3. Covering Power: — About SO square yards to the 
gallon. 

4. Approximate time for applying one coat: Seven 
minutes per square yard. 
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VARNISHES 
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MANDKK'S CONCRETE I'KIMKK 
(PP.800). 

A SEALER and a primer foi use on all kinds 
of NEW PLASTER, CONCRETE. PORTLAND 
CEMENT, BRICKWORK, STUCCO, ROUGH 
CAST, SI ONI WORK, ASBESTOS SHEETING, 
etc. 

The painting of these surfaces calls tor the use 
of a primer which ean be relied upon to prevent 
the alkaline action caused b\ moisture in them. 
Uneven and excessive porosity, saponification of the 
paint films resulting in discoloured and stick) patches, 
are some of the troubles experienced when paints 
are applied to new plaster, concrete, etc . unless the 
correct type of sealer is used first. 

Mander's Concrete Primer resists effectively this 
alkaline action and provides a uniformly non-porous 
surface on which to proceed with the application oi 
"Aqualine" Water Paint, "Vernasca" Rat Oil Paint, 
Durable Gloss Paint and other Mander decorative 
finishes. 

The surfaces to Ik- painted should be allowed 
to dry for as long as possible o\o not "follow the 
trowel" with Concrete Primer. Any efflorescence 
present should be entirety removed with fine wire 
wool. One coat of Concrete Primer, applied b> 
brush, is usual!) sufficient, but if a second coat is 
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required, at least 24 hours should be allowed between 
coats, and a further 24 hours before the application 
oi either oil, gloss or water paint. Concrete Primer 
dries with a gloss) surface providing an efficient 
ke\ for subsequent painting. It should not be rubbed 
down or broken in an> way. 

Although Concrete Primer is usually effective 
on the surfaces described, there may be cases where 
the thickness oi the wall and the amount of moisture 
and alkaline present, prevent a successful result being 

obtained. 

Surfaces previously treated with distemper, 
limewash or water paint, should be thoroughly 
washed and scraped to remove the old materials, 
but the application of a coat of Concrete Primer will 
bind down any which it might be impossible to 
remove and will reduce the porosity of the surface. 

This primer is equally suitable for Interior and 
Exterior application. It covers 60 to 80 square yards 
per gallon, depending on the porosity of the surface 
to which it is applied. 

Supplied in 1 gallon. \ gallon and J gallon tins. 



32 



MANDER'S ANTI-SUCTION SOLUTION 
(SD.783). 

For stopping excessive suction in "hof ' walls before 
applying Water Paint. 

Wherever walls are exceptionally dry and 
porous, either owing to previous coats of water 
paint or to any other cause, a coat of Aqua line 
Anti-Suction Solution should be given. This is a 
thin, transparent liquid which effectively docs its 
work, and enables Aqualine to be applied without 
any risk of "scuffing" or sinking in. 

Its covering power naturally depends entirely 
on the porosity of the surface on which it is applied. 

It has the additional advantage of binding any 
old water paint or distemper which has been applied 
and which it is found impossible to remove com- 
pletely. The latter operation should, however, be 
effected as far as possible. 

It must be clearly understood that the Aqualine 
Anti-Suction Solution is not of an aqueous nature, 
but is more like a thin varnish, so that suitable 
brushes must be used, and naturally no water must 
be mixed with it. 

Sold in -\ and 1 gallon free cans. 
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MANDERS NEUTRAL PRIMER 
(SN.788). 

1 he difficult} which arises when White Paim 
is applied on either Old Tar or Bleeding Reds is 
one which has been familiar to painters for many 
years, and many have been the preparations 
recommended for avoiding the difficulty. 

The cause of this difficulty is the fact that these 
"bleeding" reds are made from colouring matters 
which are soluble in Oil. so that when the new paint 
is applied on the top of the old. the linseed oil in the 
former, dissolves some of the colouring matter in 
the old paint, which is consequently transferred to 
the new coat and tinges it a yellowish pink. 

It is quite easy to stop this action by giving the 
old paint a coat of some material impervious to 
linseed oil, and which has no solvent action on the 
red. As. however, practically all oils act as solvent. 
any such preparation has to be entirely free from 
oil and is necessarily of a very brittle inelastic nature, 
so that cracking of the film is very liable to take 
place. When such cracking takes place, the linseed 
oil penetrates through the cracks, dissolves the red, 
and the white paint on the top is affected almost 
as badly as though no special preparation had been 
used. 
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Shellac Varnish is often recommended as a 
resistant, but is open to the above objection on 
account of its brittle inelastic nature. 

We have recently succeeded, however, in 
producing a new resistant, which we claim to be 
absolutely impenetrable either by a "bleeding" red 
or by old tar, and which at the same time dries 
with a tough, flexible film which is not liable to 
crack, even on new paint. This article, NEUTRAL 
PRIMER 788, is comparatively cheap and is sure to 
be of interest to Decorators troubled with problems 
of the above kind. 
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MANDER'S VARNISHES. 

Extra Hard Church Oak Varnish. 

This is one of our oldest and most popular 
\ arnishes, and is particularly adapted for the seats 
oi churches, school work, etc., and is suitable for 
all interior work requiring a hard finish. It dries 
fairl) quickl) with a smooth firm surface, free from 
tackiness. 
Mander's Whitovar. 

This is a Mander speciality, being an excellent 
pale oil Varnish suitable for exterior and interior 
k on light colours ol" either paint or wallpaper. 
There is no likelihood of "yellowing" occurring as 
in some inferior grades. 
Fine Copal Varnish for Front Doors. 

This fine varnish can be relied on to offer the 
maximum resistance to the action of the weather, 
and is therefore most suitable for prolonged exterior 
exposure on surfaces such as are indicated by the 
name It dries with a high gloss. 
Matsine Finish. 

Matsine is recognised in the trade as the 
standard tor best-class graining, staining, glazing, 
and scumbling work. We, therefore, particularly 
advise the use of Matsine Finish in conjunction with 
the stain, to ensure the most satisfactory results 
Matsine Finish is made in three grades— GK- 
Semi-fiat and Matt. 

Full list of Mander's Varnishes will be sent on 
application. 
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THE "KEY" TO 
SPRAY APPLICATION. 

By R. J. Webb, Aerostyle Ltd. 

The application of paint by spray method is a 
question which faces most Architects of to-day. 
Where the surface is to be painted for protection 
or decoration, the importance of obtaining a proper 
mechanical "key" between paint him and wall surface 
is of prime importance. In order to obtain a sound 
"key" it is without doubt a necessity to ensure that 
the atomised paint is properly balanced, according 
to the type of surface on which the spray is to be 
applied. Unfortunately, there are a number of 
variations which can alter the degree of atomisation, 
such as atomising pressure, paint feed pressure, paint 
viscosity and air temperature. The ideal at which 
one should aim is to obtain a spray band consisting 
of myriads of small paint globules, the diameter of 
these globules being small enough to penetrate the 
cavities in the wall surface. In the case of wood 
surfaces the small imperfections would not be 
described as cavities, although the same principle 
applies in as much as to say that it is not sufficient 
for the paint globules to merely splash on the surface, 
hence the importance in obtaining the correct degree 
of atomisation in all cases which will reduce the paint 
globule to a sufficiently small size to penetrate the 
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good, but after man> tests under normal spraying 
conditions, the "key" obtained is undoubtedly as 
good, if not better, than that obtained under normal 
brushing conditions. With a very small degree oi 
attention to the correctness of atomisation, the "key" 
obtainable by spray can be far superior to that 
obtainable by brushing. 

Speed of application and covering capacin are 
the next two points in order of importance with 
spray application. Space prevents reference to these 
latter subjects, although they are certainly less 
controversial than the subject of paint "key," 
particularly with reference to speed of application, 
as the labour saving by spray method is so high. 
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List of Buildings on which Mander's 
Materials have been used. 

ciation Building. Bedford Square. \\ ( 
Bei ks c ount) i ouncil. 
Bluecoal School, Hertford. 
Minisl s Buildings. 

ollege Oxford. 
Metropolitan Police Stations. 
Metropolitan Police i ollege, Hendon. 
Masonic School for Boys, Bushey. 
Salvation \im\ Buildings. 
Mine Pit-head Baths. 

Miners' Welfare Offices, Great Portland Street, W. 
J. Sainsbury. Ltd. 
I ondon I ranspo l I xecutive. 

Thomas hllings Association. Omnibus Depots, etc. 
Rootes 1 actorj . 

Housing foi Guinness' Brewery. 
- Brewery. 

nt> i ouncil. 
Middlesex ( ount> i ouncil. 
Surrey ( ounty C ouncil. 
I ssex ( ount> c ouncil. 
Royal Horticultural Hall. Westminster. 
Westminstei ( entral Library, ( ha ring Cross Road. \\ I 
Royal National Hiroat, Nose and Ear Hospital. 
Beckenham General Hospital. 

>nal ( oal Board, Hobait House. S.W. 
British National I amps. 
Goldsmiths' Hall. E.C. 
Audrey House. 1 
No, folk House, E.C. 
St. Paul's toils School. Hammersmith. 
I eeds University. 
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List of Buildings on which Mander Materials have been used 

Peterborough Town Hall. 

Great Northern Hotel, Peterboroi 

Scunthorpe Corporation Bat I 

Grantham Corporation. 

[ incoln Corporation. 

Huntingdon County Council. 

Ko\al t ornwall Infirmary, Truro. 

Oiympia. I ondon, W. 

National 1 1 list Building 

Harefield Sanatorium. 

Grays Inn, \\ ( 

Liverpool Victoria Hou pton Rov V\ * 

India Buildings. Liverpool. 

Bryant & Mays, Speke, Liverpool. 

Electricity House, Bristol. 

Summerlands Hospital, Yeovil. 

Bristol University. 

Newbury Race Course. 

Museum and Art Gallery, Bn 

Freemasons' Hall, Great Queen Street, W ( 

Royal College of Surgeons, Lincolns Inn I ields, W.C. 

Ackworth School, near Pontefract. 

National Deposit Rest Home, Skegness. 

The Sailors' Rest Home, Skegness. 

Georges & ( o., Bristol Brewery. Licensed Houses. 

Royal Horticultural Hall, Vincent Square. S.W. 

Westminster Council Welfare ( links. 

Lache Housing, Chester. 

Liverpool Housing, Liverpool. 

Euston Station Buildings. 

Twickenham Borough Council Housing. 






I rule Depots arc situated throughout the country at: — 



HI \c KPOOL 


Sefton Street. 


BRISTOL 


28- 32, Union Street. 


t WIBRIDGE 


47. Regent Street. 


■■ ARDIFF - 


Siemens* Buildings, Woods Street 


CARLISLE - 


6, The Crescent. 


COLWA \ H\> 


44. Abergele Road. 


GLASGOW - 


61, Bath Street. 


IPSWICH 


21, Upper Brook Street. 


1 W( ASTER 


Church Street. 


1 I AMINGTON - 


91, Warwick Street. 


I 1\ ERPOOL 


75. Victoria Street. 


\1 \N( HFSTER - 


243 - 7, Deansgate. 


NEWPORT, Mon. - 


63, Commercial Street. 


NOTTINGHAM - 


11, The Poultry. 


OXFORD 


36, St. Michael Street. 


PETERBOROUGH 


41, Westgate. 


PLYMOUTH 


35, Victoria Street. 




Portland Square. 


PRESTON - 


Union Street. 


SALISBl k\ 


4, Endless Street. 


SHREWSBURY - 


4, Claremont Street. 


STOKE 


42. Liverpool Street. 


SWANSEA - 


1 1 5, Lower Oxford Street, 


WOLVERHAMPTON - 


Skinner Street. 


WORCESTER 


26. New Street. 


YORK 


12, Fossgate. 


LONDON - 


Southampton House. 




317, High Holborn, W.C.I. 
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